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>~-f12 CONDUCTOR OR DRAIN WIRE TO SHAPE* LABEL AND 
S CONNECTED AS SHOWN ON EXISTING, RELOCATIONS AND ADDITIONS 
BLOCK WIRING DIAGRAM. 
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SHRINK TUBE. 
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NOT TO BE USED Y / / ' ' f / * 
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(BRADY LABEL fWML-305-292 OAE.) TO BE FURNISHED k 
WSTAUED. 
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MACHINE ROOM SMOKE DETECTORS 
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REPRESENTS THE TAG (BRADY LABEL fWML-205-292-1 OAE) 
TO BE FURNISHED AND INSTALLED. 
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CUT FOIL SHIELD FLUSH WITH 
END OF OUTER JACKET. 


MAINTAIN TWIST. 


CIRCUIT DESIGNATION CABLE TAG 
BRADY LABEL JfWML-305-292 
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TERMINATED OR CONTINUED 
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t. FOR LEGEND. ABBREVIATIONS k GENERAL NOTES, SEE DWG E-1. 
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SHIELD/DRAIN INSULATING METHOD *A* ON THIS DWG. 
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+ W 5 

L INDICATES TERMINAL BLOCK NUMBER v 
BRADY LABEL # TB02-502-281 (OAE.) 
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